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SUBSTATION "SS-PB" 


PANEL EDPSG/SLB/A. 
SEE RISER DIAGRAM ON E-5. 


SEE OETAIL 'A' ON DWG. E-3. 


15-i/C#8, 1-1/C#10G, 
8-1/C#10 IG IN 2 C 
k 8-1/C#10, 1-1/C#10G, 
4~1/C#10 IG IN 1 1/4 B C 
TO FIRE COMMAND CENTER 
CONSOLE. SEE RISER 
DIAGRAM ON DWG. E-5 — 


SEE FIRE COMMAND 
STATION PLAN 



ONCOURSE LEVEL - PART PLAN 






FIRE COMMAND STATION 
CONSOLE ON CONCOURSE 
LEVEL, SEE DETAIL 'P1* 


*B1' LEVEL- G 
STAIRWAY 'K7* 
SEE PART PLAN. 


1 1/2°C. WITH DRAG 
LINE FOR FUTURE TELE. CABLE 
TERMINATE ABOVE TTB AT CLG. 


|12"x12"x6" PB 
(TYPICAL) n 
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SCALE IN FEET 


64 



SUBGRADE If LEVEL • PLAN 



SUBGRADE 


CONCOURSE 


TOWER 2 


32 

SCALE IN FEET 


64 


RADIANT F LUG iN 


DESK HTR, 






1 



UNDER 


(TYPICAL FOR 


GUM3 GP RECEPTACLE, 1- PHONE! SET ANC 


2 SPARE RHONE 

(TOPICAL) 


SEI LEGEND ON 


RE 
BE 


EPTACLE AND 


3) 


ACKS ON CONSOLE 


WG. E- 3 (TYP.; 


FMC LOCATED 


uOW COJNTERTOP. SECJRE TO 


RE\R PLYWOOD PANEL Off CABINfT 
("TOPICAL) 



3 1/C#tO f 1-l/C#tOG, 
1-1/CHO IG IN 3/4" FMC 



N 



FA CONTROL 
SLA8 B ILOW Gl 
NCC'S MA CABLtf 
ARCHITECTURAL 


® \m\ ® ]|r¥]| 11 


NOTE 


2 CKTS FOR FUTURE ELEVATOR 
STARTER CONSOLE 



TELEPHONE 12"x 
EMER PDWER TO 
~S£L-SLU5GRAD£ 



P3 THIS 


CKT 11 TO E ALL AST 
BALLAST BO< PROVIDED 
PROMDED WITH CONSOLE 
EOfiLUG, AhD VENTILATION 

PAPCR FEED SLOT TYP. 


2-1 1/2"C FOR DATA AND 
POWER WIRING TO PRINTERS 
VIA SUBGRADE 



j1 1/2"C 

1 1/4"C 




TO FCC CONSOLE IN 1"C. EM8EDDED IN 
LOOR. AT CONSOLE ROUTE WIRING TO 
SEE SECTION 1, DWG. E-5. AND 
GENERAL NOTE 8, DWG E-1. 


5W 

I2 w x6 

UPS'S (^"xW 
hi* I FVFl PI AN \ 


DWG. FOR CONTINUATION \ 



EMER^QWER] (AL 


8~1/C#10, 1-1/C #10G, 
4-1/C #10 IG IN rc - 
VIA SUBGRADE 



LOADS EX. UPS'S) 


E 6 TE .EPF ONE"' JACKS 


NOTES: 

1. ROUTE ALL POWER AND TEL. CKTS. IN CONSOLE SN FLEXIBLE 
METAL CONDUIT FROM JUNCTION BOX VIA CABLE TRAY TO 
RECEPTACLES/ OUTLETS U.O.N. SEE PANELBOARD SCHEDULE 
AND SECTION ON DWG. E-5. SEE WIRING DIAGRAM ON DWG. E 

2. SEE DWG E-3, D4 FOR REMOVALS AND RELOCATIONS. 
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3. SEE I.G. RECEPTACLE DETAIL ON DWG. E-3. MOUNT'cG IN BOTTOM 
CONSOLE U.O.N. SEE GENERAL NOTE 9 ON DWG. E-I(TYPICAL) 

4. TWO 1 i/2"C. W/ DRAG LINE FOR FUTURE GLOBAL NETWORKING 
CABLE. CORE DRILL THROUGH FLOOR INTO SUBGRADl". ROUTE 
CONDUITS TO ACCESSIBLE LOCATION IN PLENUM AND TERMINATE. 
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rnK C |^^™J S ® A TRUE AND CORRECT 



u » f» rnn I ur WJN I HACT NO* 
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impm^ - <x)^tract was BXBcvmm 




FIRE COMMAND CENTER * PLAN 
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CONCOURSE LEVEL 


N 


TOWER TWO 
KEY PLAN 

(SEE OWGS. T~2 k T-3) 
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